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Brick Buildings are Red 

Stone Blue 

Wooden Yellow 

B C i LDI NGS M Aft K £ 0 R C A ft £ RoUGH CAST 
OR Plastered. 

•< Fi reWall onefootabove Roof 


OWNERS 77 ^ 6 ’ Montreal IVoullen Mill Co. 
MANUFACTURE: - Tioceds. Meltons. Ptlols. 
Serges, Cloakings and Etoffes. 

STOCK : — Wool, Colton and Shoddy, the latter 
manufachired on premises. 

CAPACITY :-75 Looms ( cards. English 
measure ). 

EMPLOYEES:- —i8o. tzoo-thirds loonien. 

HOURS OF W 0 RK:-^^o per week, overtime 
occasionally. 

POmU :- Water. 

HEAT: — Steam. Steam-pipes not in contact 

with Wood-work. 

LIGHT : -Electi'ic ( Incandescent ) ; Gas as aux- 
iliary in all Buildings except Nos. y and 
y ; Lantern for Watchman. 

?Ul:-Coal. 

OILS : — Olive, Lard and Oleine, on Stock and 
M achinery . 

W^SJE'.— Cleared and burned daily (Boy spe- 
cially employed for same ). 

DRYING: — On Second Eloor of Boiler House 
No. 5 ,• Wood floor and raised hatchway 
over boilers : Steam Dryer and Ihin. 


. \‘.B This bri/i// ci/t /.so/H(dno Pbrycr:/ i/m 
(f/ict tn s/i/iir kealt' c/.s /dan . Verbiaa/ 
I/i tac'// si ons aan ha .^c.cibec/ ftv/n. tl . 


’■ TWO FEET 

Frame Partiti o n 
Opening in Brick Wall 
Opening with Iron Doors 

Windows with IronShutters 
Window ON 1 st Story 

• » 2nd 

- » Ist& 3 rD" 

« " 2 N D 4 4 th r 

Brick Parapet Wall 
Sta b le . 

Gallery orVerandah. 
M ETAL Cornice(Solid Line| 
Wooden Cornice ( Broken Line 
HYDRANTS SHOWN THUS Q 
. p STANDPIPES THUS Q C| - 
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See / N SURA NCE Plan ofMontreal 
I^ojlJZT, £:t 36 , 3i-oc/<, 2s e . 
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protection — 

STAND-PIPES:- Stand-Pipes connecied with 
City water on each flat of Nos. i and y. 

HOSE: — 100 feet of 2f Hose on first floor, 
and yo feet on all other floors, kept by 
Stand-pipes. 

STEAM JET: — Steam pipe into Drying-room, 
No. y, and Rag-picking-room. No. 2. 

PAILS AND BARRELS each floor of Nos. 

I and y. 

LIGHTNING R 0 D:-A 7 «/l. 

WATCHMAN: — One Watchman and Clock. 

Private alarm to Seigneurs Street Eire Sta- 
tion. No. 12. ivhich is distant S6o feet ; 
Street alarm, yoo feet distant : Telephone 
to City. 

I'wo Sh eet Hydrants, one ip.y feel, and one 
with four nozzles i/y feet distant. 


— CONSTRUCTION. — 

AGE:— vVoj-. I, 2. y. 4, y and 6, old ; No. y. 
built i8Sy. 

WALLS : — No. /. First Story. Stone. 20" thick , 
Brick above. 16 " thick ; no ceilings ; 
Walls are whitewashed on Brick 
inside. 

No. 2. Stone foundations. Brick 
above. 16" thick : Wood posts and 
joists ; no ceilings. 

No. y. Brick, 12" thick : Iron-lined 
floor and ceiling. 

No. 4. Stone foundation , F^art op 
front, Stone . external wall of 
Second floor. Brick veneer. 

No. 6. Wood. 

No. y. Stone foundations. Brick 
above , First and Second stories, 
20" thick ; Third story. 16" thick ; 
no ceilings ; walls arc whitewashed 


on Brick inside . This building is 
supported on C. I. columns and 
girders, on Stone foundations, over 
tail-race. 

ROOFS :-t 'emenl a nd gravel. 

CORNICES: — On Nos. 4 and y arc Wooden, 
8" deep, and projecting 8'' . 

FLOORS: — In No. y are 2}j' double wood Jloor- 
ing. loith felling between, on y joists, 
supported on C. I. columns on First and 
Second stories, and zoood posts Third. 

SJmS: Open, Wood. 

DOORS:- -Behween Nos. / and y and y and 4 
are of Wood, 2" thick, tin-clad both sides, 
treads iron-clad ; tin-clad lintels. Win- 
dows on south side. cVo. y. are protected 
by 2" Wood Shutters, tin-clad inside, ex- 
cept centre zoindozos, top floor. Belzvecn 
Nos. 4 and y are of 2" Wood, tin-clad. 
Betzveen iVos. 2 and y. Iron door 24" 
X i(T. 







